UNIT  CONSTRUCTION  COSTS
1521
Group No. 2
NUMBER       NAME OF ACCOUNT         CWT.       AMOUNT    ~ "        AMOUNT     * J *      AMOUNT
V-/WT.                               CJWT.
LABOR COST       ERECTION COST          TOTAL COBT
/•*'
OWT.
8406          Two    40-ton    Morgan
cranes .............    2,215.00    $1,438.50    $0.65   $3,813.34    $1.72   $23,027.05     $10.40
S407         Two clinkcring ma-
chines ....... ......     1,602.13      1,715.23      1.01     2,435.73      1.44     15,097.17         9.28
.8415          Two casting machines. 2,692.20 3,266.34 1.21 3,082.40 1.37 27,477.55 10.21
7704 .8112 •8718
•9004 •9008.1
6,599.33    $(5,420.07    $0.97   $9,931.47    $1.50   $66,202.37     $10.03
Farrell crusher, 36 by
18................       500.00
Two motor-driven fana
at roaster building..         61.40
Traveling hand crane,
5 ton...........         30.00
44    20 ton..........        252,00
Three   surface       con-
eUmsors............     1,157.00
'9009.03     One   barometric   condenser.............         81.32
Group No. 3
392.86     0.79 77.69      1.27
25.19      0.84 131.89     0.52
•101.31      0.80      1,486.47        2.96
81.11      1.32      1,483.60      24.1ft
44.90      1.50         589.55      19.05
169,16     0.67      1,855.16        7.36
415.31      0.36        542.82      0.47,   19,978.86       17.27 128.97      1.59        185.33      2.28       1,078.65       13,20
2,081.72    $1,171.01    $0.56   $1,424.63    $0.08   $26,472.29     $12.72
•9011.02     Two oxcitors.........
•9012.02 Two 150 Kw. nyn-chronoua generator fiotH...............
Group No. 4
543,00         491.01      0.90        804.31      1.59       5,009.27       12.17 418.98         lUtMW      0.70        099.23      1.07       7,149.39       17.09
001.08       $810.07    $0.84   $1,503.54    $1.63   $13,758.66     $14.30
In the above average coHtn an effort h:i« been made for a logical jj;roupinK, yet it IB Romewhat arbitrary. Group 1 contains tho erection of engine machinery. It VVHH hero neeenaary, in addition to handling heavy weightH and placing on, the foundation, to clean, adjunfc, and line up many menhanienl partn. Group 2 in very nimilar to I, but the machinery in not of the engine type and not no heavy in proportion to the labor required to put it in working order. Group H oompoHtm machinery that required little other labor in the main than the lifting of heavy loads into place. Group 4 IH somewhat •similar to Group 3, but the labor in principally electrical. Tho above oontH arts reported aH labor, erection, and total contH. Tlie labor cost in Holf explanatory. The erection c«Ht in the labor cont plus the needed nmall HuppHea, nueh an waHte, oil, nnmll tooln, ami tho like. Tluj total cont IH also 8<*lf-•explanatory.
Masonry
NUMIIBR           NAUK or Acxro
7312 . 2    nctaininK wall
OR GOHT
1»MH
(3u. Yi>. AMOUNT .* ™7,    AMOUNT
Cu, YD.
MATFJIIAL COHT    TOTAL COHT AMOUNT J'1' I
v
'u. YD,
21.9      $88.08    $4.03    $47.51    $2.17    $135.59    90.10
Cost of Painting Concrete
IjA.noit COHT       MATKHIAL COST
j» COHT
NAMK OF ACCOUNT         Hq. YD.   AMOUNT        ''       AMOUNT „    'y.    AMOUNT*        \f
•9002.45   Power house biMwrnwit floor..     830      181.45     $0.10     $48.81     $0.00    $130.20    $0.10
Two coats of Tooh coituuit fillor '9002.7    Power house walln and foundations..................   2,459      195.84       0.08     301.61       0.12      497.45      0.20
One coat of Wadeworth Howlund Bay Btat« eemcmt paint '9003.43   Powor house, top of main floor
slab.....................   1,134        95.50      0.08     199.32       0.18      29-1.88      0.2(1
Two coats of Toch cement filler—ona coat of Toah cement paintvorba. ami bottom..............,,,           405,31             4114          I,tHi
